CONFIDENTIAL 


ApprovedFor Release 2005/08/02 : CIA-RDP86-88800R000200110020-3 
29 JUL 1981 


MEMORANDUM FOR THE RECORD 


SUBJECT: Engineering Inspection off 25X1 
Public Works Officer on 9 July 1981 (C) 


1. The inspection was conducted bf 25xX1 
So a ee 
2. The north area well, a [7 25x! 
potable water well, had become unusable because it began pumping | 


sand, mud, and gravel. Without this | a ad was 25X1 
dependent upon city water. The well was relined and is now back 
in service and undergoing tests. (C) 


3. <A classified waste building is under construction. Prep- 
aration had been made for the pouring of footings. Concrete was 
ordered for pouring the following day. (U) 


4. Under a previous delegation of authority, storm windows 
were installed in several housing units. Another request for 


delegation of authority will be made for the installation of 
25X1 storm windows aaa ame (C) 


5. Work is continuing on incremental replacement of the 
aged and leaking water line system. (U) 


6. Underground heating lines at the Administration Building 
will have to be replaced soon. (U) 


25X1 


existing roofing is o ullt-up type, generally 2 in 12 slope. 
Consideration has been made of replacing these roofs with shingles. 


25X1 
WARNING NOTICE 
INTELLIGENCE SOURCES 
AND METHODS INVOLVED 
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Although the 2 in 12 slope is marginal for use of shingles, 
several manufacturers provide guarantees at this slope (although 
the guarantees do not mean much), but with the amount of money 
that could be saved, the risk would seem worthwhile. Shingle 
installation should be made by the manufacturer's recommendation 
with a double underlayment. (C) 


25X1 


Project Engineer 
Field Engingineering Branch, RECD/OL 
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